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SUBJ: JPTS FUEL TEST 

' ' lm FUEL SA ' <IPLES WERE TESTED I N LOCAL LABORATORY THIS DATE AND FOUND 

W 70 MtET SPECIF ICATIONS in all CASES. THE FOLLOWING DATA IS 

PROVIDED FOR YOUR INFORMATION: 


FLASH POINT 
FSI I 

WATER CONTENT 
A.P.I. GRAVITY 

particulate matter 

two samples were used, one was taken from fuel line, the other 

FROM THE BOTTOM DRAIN POINT. 

2. THE LABORATORY HERE I S THE 'IAIN CEN TRAL FACILITY „HICH SERVICES 

the entire mediterranean' 


sample one 

135 DEG F 
0. 14 
NONE 

48. 1 

0.03 MG /L 


SAMPLE TwO 
135 DEG F 
0.14 
NONE 
48.2 
0 


ALL CHEMISTS ARE DEGREED 25X1C 


civilians who are highly skilled, three DIFFERENT CHEMISTS, working 
INDEPENDENTLY, CAME UP WITH FIGURES WHICH WERE IN 0TAL 
AGREEMENT. THEIR ANALYSIS INDICATES THE FUEL MAY BE USED WITHOUT 

RESERVATION. IT FURTHER INFORMATION IS NEEDED, PLEASE ADVISE. 

E-2 IMPDET 

SECRET 
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